
CROWD BUSWAY 
(TYPICAL) SEE 
CITAJL DWC E-6 



200CA BUSWAY 
(TYMCAl) — 


PART PLAN 75th FIOPR 


SCALE IN FEET 


EXIST. COLLECTOR BUS 
REMOVED IN STAGE S 


-7Mb FL 


PF-A7C TEMP 

PF-ASC TEMP 
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SECTION A-A 

9 (g) 


EXIST. COLLECTOR BUS 
REMOVED IN STAGE 31 



iHEPiimrjwniotcnY 


EMCWEEfQHO PROGRAM MANAGER 
WORLD TRADE CENTER 


Sf 1 


ENONEER 


75th R. 


SECTION B-R 
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-EXISTG 500KVA 
PRIMARY DISCONNECT 
SWITCH (L-1) 

(L-1) 


76th FL 




.EXIST. 5000A. COLLECTOR 
BUSWAY (AL) SEE OWG #E-5 
SECTION *X-X* 



SECTION C-C 

REMOVE EXIST. 2500A. (AL) 


& INSTALL 4000A (CU.)' ' 
TO EXIST. 


BUSWAY CONNECT 
COLLECTOR BUSWAY 
76th FL. 


EXIST. BUS TRANSITION BOX 
REMOVE EXIST. COVERS FOR 
ACCESS TO BUS VIA TEMP. 
BUS TRANSITION BOX 


EXIST. BUS 


EXIST. 1500 KVA 
TRANSFORMER 

75th FL 


SECTION D-D 

TEMPORARY CONNECTION 
AT COLLECTOR BUSWAY 


™5L E i Y tt™™ THAT THIS IS A TRUE AND CORRECT 
2^ ™E CONTRACT 

™ XT£E. A PA * T OT contract m. rirfe~&a2./)7/ 

THEPMTIE? CONTRACT WAS EXECUTED BY 

«NG4N£tt OF DESwD 



76th FL 


INC TO EXIST. 
TRANSITION BOX 


EXIST. 1500 KVA 
TRANSFORMER 

75th FL 


SECTION d-d 


NOTE : 

THIS DRAWING SHOWS BOTH STAGE H AND IE 
WORK COMBINED. FOR SEPARATION Of WORK 
SEE NOTE fJ DRAWING #E-33. 

FOR WORK IN THE ELECTRIC CLOSET "C SEE 
DRAWING #E-40. SS-75N ONE LWE DIAGRAM. 

FOR LOCAL CONTROL PANEL DETAILS SEE 
DRAWING |E-107 v . 

FOR BUSWAY REQUIREMENTS SEE DWC. ft-2 
GENERAL NOTE #17. ' 
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TOWER ONE AND TWO 
LOW VOLTAGE S 
SUBSTATIONS 
CONSTRUCTION AND' 
INSTALLATION # 

ELECTRICAL'' | 

SUBSTATION SSrr75Sj 
STAGE 3LAND 3ft O 
SWfTCKGEAR EQUIPMENT 
PLAN & SECTIONS " 
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<«f*«> on rtMrvwl Vj Port AuiSoriW 
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